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ACTION OC-06 

INFO OCT-01 EUR-06 ISO-OO CCO-OO OCL-OO ST-01 /014W 
107947 

0 R 020904Z JUL 74 

FM AMCONSUL LENINGRAD 
TO SECSTATE WASHDC IMMEDIATE 0584 
INFO AMEMBASSY MOSCOW 
AMEMBASSY BONN 
AMEMBASSY LONDON 
AMCONSUL FRANKFURT 

CONFIDENTIAL LENINGRAD 0604 

E.O. 11652: GDS 
TAGS: ACOM, ASEC 

SUBJECT: SHIELDED ENCLOSURE COOLING SYSTEM 
BONN FOR RCO, LONDON FOR ATO, FRANKFURT FOR RTC 

1. SERIOUS PROBLEMS HAVE DEVELOPED IN COLD WATER LINES TO SIXTH 
FLOOR ENCLOSURE. WE CANNOT CONTROL TEMPERATURE. 

2. INVESTIGATION REVEALED DEFECTIVE GATE VALVE AND SEVERAL 
LEAKING JOINTS. BELIEVE LOSS OF WATER AND INTRODUCTION OF AIR HAS 
CAUSED AIR LOCK REDUCING CIRCULATION. 

3. PROPOSED ACTION IS TO REPLACE DEFECTIVE PARTS. ALSO, REROUTE 
DELIVERY AND RETURN LINES FOR GREATER EFFICIENCY. 

4. NO SPARE PARTS ARE AVAILABLE ON POST. THEREFORE, PLEASE 
EXPEDITE FOLLOWING ITEMS: 

1 QUART PVC CLEANING SOLVENT 

2 QUARTS PVC JOINT CEMENT 
50 FEET 2 INCH ARMAFLEX 

4 EACH GATE VALVES WITH 2 INCH SOCKETS, SCH 40 
30 EACH 2 INCH PVC PIPE COUPLINGS, SCH 40 
10 EACH 2 INCH PVC, 10 FOOT SECTIONS, SCH 40 
10 EACH 2 INCH 90 DEGREE PVC COUPLINGS, SCH 40 
CONFIDENTIAL 

CONFIDENTIAL 

PAGE 02 TUNING 00604 021321Z 

4 EACH REDUCING BUSHING, 3/4 INCH SOCKET TO 2 INCH SOCKET, SCH 40 
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5. THE 10 FOOT SECTIONS MAY BE CUT TO 5 FEET FOR EASE IN SHIPPING. 
GLEYSTEEN 
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